


NATIONAL AERONAUTICS AND SPACE ADMINISTRATION • 
/ Washington O.C. 20S4S 


a :»\,v vt» 

• ”• *>': GP 


TO s US I/Scientific & Technical Information Division 

Attentions Klee Winnie M. Morgan 

FROM s GP/Of f ice of Assistant General Counsel for 

Pate n h-Mat te r s 

SUBJECTS ‘ Announcement of NASA-Owned U. S. Patents in STAR 

In accordance with the procedures agreed upon by Code GP 
and Code USX, the attached NASA-owned >U. S«*' Patent Is being 
forwarded for abstracting, and announcement in- NASA STAR* 


«** 


G 


following information is provided® 


U. S. Patent No. 

Government or 
Corporate Employee 


8 


S 



Supplementary Corporate 
Source (if applicable) 

NASA patent Case No. 


» 


LG.e « If this patent eovore an invention made by a corporate 

employee of a NASA Contractors the following is applicable* 

~ Yes No □ 

Pursuant to Section 305(a) of the National Aeronautics and 
Space Act, the name of the Administrator of NASA appears on 
the first page of the patent? however, the name of the actual 
inventor (author) appears at the heading ©f Column No. 1 ©f 
t. ~ specification, following the words "• « with respect to 



Enclosure 

Copy ©fi Patent sited above 



March 2, 

1971 

L. G. HAYS 
FLUID PHASE ANALYZER 

3,566,676 

Filed April 

17, 1969 


2 Sheets-Sheet 1 


mm 


I I VJ. 


to 9 aiudv^ 



INVENTOR. 
LANCE G. HAYS 


ATTORNEYS 




March 2. 1971 


Filed April 17, 1969 


L. G. HAYS 


FLUID PHASE ANALYZER 


3,566,676 


2 Sheets-Sheet 2 


FIG.6 


HHH 





■mmi i 2 b 122 


FIG. 5 



•00 200 300 400 


TEMPERATURE DIFFERENCE Tg-T^F 


FIG. 4 



TEMPERATURE DIFFERENCE T^-T^F 


INVENTOR. 
LANCE G. HAYS 


ATTORNEYS. 





United States Patent Office 


3 , 566^076 

Patented Mar. 2, 1971 


1 

3,566,676 

FLUID PHASE ANALYZER 
Lance G. Hays, Pasadena, Calif., assignor to the United 
States of America as represented by the Administrator 
of the National Aeronautics and Space Administration 
Filed Apr. 17, 1969, Ser. No. 816,988 
Int. Cl. GOln 25/00 

U.S. Cl. 73—61 15 Claims 


ABSTRACT OF THE DISCLOSURE 

An analyzer for determining the relative amount of 
liquid and vapor in a mixed phase body of fluid. A hollow 
closed-end gage containing a heat transport fluid and hav- 
ing its walls lined with a capillary wick is partially in- 
serted into contact with both phases of the body. Heat 
is exchanged with the body and heat is transferred from 
the portion immersed in the body to an external portion 
of the gage. In one embodiment a thermocouple attached 
to the external portion measures a parameter related to 
the heat transferred and therefore the phase distribution. 
In another embodiment, the thermocouple is utilized to 
maintain the wall temperature at a fixed temperature and 
energy input to a heater associated with the external por- 
tion provides the desired parameter. 


ORIGIN OF THE INVENTION 

The invention described herein was made in the per- 
formance of work under a NASA contract and is subject 
to the provisions of Section 305 of the National Aero- 
nautics and Space Act of 1958, Public Law 85-568 (72 
Stat. 435; 42 USC 2457). 

BACKGROUND OF THE INVENTION 
(1) Field of the invention 

The present invention relates to a device and method 
for analyzing or monitoring vapor and liquid phases in 
static or flowing two-phase bodies of fluid. More particu- 
larly, this invention relates to a probe for determining 
the liquid level in a vessel or the ratio of liquid to vapor in 
a two-phase flowing stream. 

(2) Description of the prior art 

Modern technology has progressed to the point where 
devices are being constructed and operated at the extremes 
of very high and very low temperatures. More and more 
operations are being conducted at cryogenic temperatures 
and there is substantially more activity involving process 
streams formed of mixtures of molten metal and vapors. 
Specific examples of commercial operations would be the 
cryogenic streams of hydrogen gas supplied to hydrogen 
arc jet units and the molten liquid metals which form a 
part of magnetohydrodynamic systems and are also uti- 
lized in breeder nuclear reactors. 

However, known liquid level monitoring systems are 
not capable of effectively operating at these extreme tem- 
peratures and require the complex measurement of multi- 
ple variables. For example, gamma ray detectors measure 
overall stream density changes but these units require 
complicated readout circuits, are limited to detector tem- 
peratures under 200° F. and are difficult to calibrate due 
to gamma ray absorption by the walls containing the 
stream. Ultrasonic flow analyzers have been used for tem- 
peratures and require the complex measurement of multi- 
tems. Rather simple electric resistance and capacitance 
probes have been used but they are unreliable due to in- 
sulator breakdown at the higher temperatures encoun- 
tered in the environment of molten metals. 
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OBJECTS AND SUMMARY OF THE INVENTION 

It is therefore an object of the invention to provide 
a light-weight, efficient device for analyzing gas-liquid 
phase systems, having no moving parts and which sup- 
plies characteristic data concerning the system by measure- 
ment of a minimum number of variables. 

Another object of the invention is the provision of a 
reliable, longlife probe apparatus which can be utilized 
over an extremely wide range of temperatures. 

A still further object of the invention is the provision 
of a system that is readily fabricated at low cost and can 
be utilized in any extreme of temperature and radioactivity 
that can be tolerated by the flow system or vessel itself. 

Yet another object of the invention is the provision of 
an accurate, reliable and simple device that readily and 
effectively provides a measure of the ratio of liquid to 
gas in static or moving systems. 

These and other objects and many attendant advantages 
of the invention will become apparent as the description 
proceeds. 

The analytical device according to the invention com- 
prises an elongated heat conducting probe having a first 
portion insertable into a container enclosing a two-phase 
body of fluid and a second portion extending from said 
container. Means are provided for transferring heat be- 
tween said portions and for measuring the amount of heat 
exchanged or a quantity or parameter related to the heat 
exchanged between said body of fluid and the portion of 
the probe surrounded by said body to determine the rela- 
tive amounts of each of the phases. Phase ratio is deter- 
mined by inserting the first portion of the heat conducting 
probe into the body with the other portion extending from 
the container. Heat is exchanged between the body of 
fluid and the probe portion surrounded by the body and 
heat is transferred between the sections. The relative ratio 
is determined by measuring the amount of heat exchanged 
between the immersed portion of the probe and the body 
of fluid. 

The two-phase body may be formed of a single com- 
ponent or the droplets of one material may be dispersed 
in the vapor of another material or a vapor of one ma- 
terial may be present in the headspace of the container 
storing a liquid formed of a second material. Moreover, 
the probe of the invention may operate either by adding 
heat to the body of fluid or by removing heat from the 
body. 

In the first case, heat can be added to the external 
portion of the probe, transferred to the internal portion 
and exchanged with the body of fluid. The amount of 
power supplied to the heater required to maintain the 
probe at a selected fixed temperature would be propor- 
tional to the ratio of the phases. In the second case the 
cooler internal portion of the probe absorbs heat from the 
body. The heat is transferred to the external portion and 
then to ambient. The temperature of the latter portion is 
a measure of the amount of heat being extracted from 
the body and is therefore characteristic of the composi- 
tion of the body. 

The invention will now become better understood by 
reference to the following detailed description, when con- 
sidered in conjunction with the accompanying drawings. 

BRIEF DESCRIPTION OF THE DRAWINGS 

FIG. 1 is a front sectional view of a first embodiment 
of a quantitative phase determining device according to 
the invention; 

FIG. 2 is a cross sectional view of a further embodi- 
ment of the inventive apparatus; 

FIG. 3 is a cross sectional view of a liquid level deter- 
mining apparatus according to the invention; 
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FIG. 4 is a graph of lithium level vs. temperature dif- 
ference for a body of lithium at 2000° F. 

FIG. 5 is a graph comparing the measured and calcu- 
lated liquid levels of a static body Dow-Therm A at 250° 

F.; and 

FIG. 6 is a cross sectional view of a flow detecting and 
quantitating device according to the invention. 

DESCRIPTION OF THE PREFERRED 
EMBODIMENTS 

Referring now to FIG. 1 the apparatus according to the 
invention generally includes a probe 10 having high ther- 
mal conductivity and heat exchange measuring means such 
as a thermocouple 20 attached to probe 10. The probe has 
a first or internal portion 12 extending through the wall 16 
of a container into contact with liquid and vapor phases 
18 and 21 stored therein. The internal portion of the probe 
12 is connected to the second or external portion 14. The 
thermocouple 20 is applied to the end wall 22 of sec- 
tion 14. 

In this first embodiment, the probe is being utilized 
as a level indicator and operation is based on the principle 
that heat transferred from a liquid phase is much greater 
than from a vapor phase. If the total heat input to the 
probe is measured, it will be directly proportional to the 
length of the probe in contact with liquid. In the probe of 
FIG. 1, the heat input from the liquid phase 18 and the 
vapor phase 21 is transferred by conduction from the in- 
ternal probe section 12 to the external probe section 14 
where the heat is rejected by radiation or convection. Since 
the area of the radiating or converting section is fixed, the 
temperature of the radiating or converting section will 
vary in accordance with the total heat input and therefore 
with the liquid level stored within container 16. The result- 
ant probe is a very simple and rugged construction and 
provides a reliable, high-level signal. 

A rise in liquid level in the vessel is monitored as a func- 
tion of the increased heat transfer resulting when increas- 
ingly longer lengths of the internal section of the probe 
are contacted by the stored liquid. In addition to conduc- 
tion through a solid probe, the probe may be hollow and 
a static body of liquid or gas may be utilized to transport 
the heat absorbed from the contained medium to the ex- 
ternal temperature measuring area. The parametric tem- 
perature difference over a fixed distance of the probe may 45 
be utilized to determine the heat transport and therefore 
relative ratio of the phases. 

Forced convection of a liquid or a gas may also be 
utilized to absorb or deliver heat to the contained body 
to provide a measurable parameter related to the relative 
ratio of the phases within the container. Referring now 
to FIG. 2, the internal section 12 of the probe may include 
a hollow closed end tube 30 containing a central inlet 
tube 32. A fixed mass flow of liquid enters tube 32 and 
flows upwardly into distributing headspace 33 and then 
down the annular passage 34 past the stored body of 
liquid. A first temperature sensor 36 is provided at a fixed 
inlet point and a second outlet temperature sensor 38 is 
provided at a second fixed point. A flow meter 40 is pro- 
vided on the inlet line 32. By measuring the flow rate and 
temperature change of the flowing liquid or gas the heat 
transfer betweeen the stored body of liquid and gas in the 
internal section of the probe may be measured. 

The embodiments described in FIGS. 1 and 2 are found 
to very inefficiently transfer heat from one end of the 
probe to another. Solid metals even though they conduct 
heat much better than liquids or gases are still poor con- 
ductors of heat. Copper, for instance, is usually regarded 
as one of the best conductors of heat. Yet if a thermal 
power of 10,000 watts were applied to one end of a solid 
copper bar one inch in diameter and one foot long, the 
temperature difference along the bar could theoretically 
exceed 30,000° F. the is, one end would become a vapor 
hotter than the surface of the sun while the other end 
would remain at room temperature. 
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Referring now to FIG. 3, the embodiment of the inven- 
tion illustrated herein is based on the “heat pipe” principle 
and can be several thousand times more effective in trans- 
porting heat than the best metallic conductors. The heat 
g pipe is a closed tubular pipe partially filled with a heat 
transport fluid selected to have a reasonable vapor pres- 
sure at the temperature of the body of fluid in the vapo- 
rizing temperature vessel. At the boiler end of the heat 
pipe, heat is absorbed from the environment and causes 
vaporization of the internal heat transfer fluid. The vapor 
expands, permeates the pipe and condenses in the con- 
denser zone portion thereof giving up its latent heat of 
vaporization in the process. The condensate is then re- 
turned to the boiler end suitably by means of gravity 
15 flow in the case where the probe is inserted into the con- 
tainer with the condenser zone provided above the boiler 
zone. However, in accordance with the invention, it is 
preferred to return the condensate to the boiler section 
by means of capillary flow which can be provided by 
20 roughening the interior walls of the pipe and preferably 
by providing a wick attached to the interior wall of the 
device. 

The function of the working fluid within a heat pipe is 
to absorb the heat energy received at the evaporator or 
25 boiler section, transport the energy through the pipe and 
release this energy at the condenser section. This process 
is called vapor heat transfer. It is important to note that 
the vaporized fluid stores heat energy at the temperature at 
which the vapor was created and it will retain the energy 
30 at that temperature until it meets a colder surface. The re- 
sult is that the temperature along the entire length of the 
heat pipe ends to remain substantially constant. It is this 
tendency to resist temperature change that is responsible 
for the high thermal conductance and makes it an ideal 
35 structure for utilizing as the probe member in the phase 
determining device of the invention. 

The return of the condensed liquid to the boiler or 
evaporator section could be accomplished by a pump or 
by gravity. However, gravity requires that the boiler 
40 always be located above the condenser which is not al- 
ways convenient. A separate pump eliminates the restric- 
tion as to the arrangement of the sections but it requires 
outside energy for its operation and also adds the com- 
plexity of control and reduced reliability. 

A heat pipe incorporating a capillary pumping action 
can operate against gravity or in no gravity situations and 
does not need any external energy to move the fluid. 
Movement of the working fluid is accomplished by capil- 
lary action within the wick that connects the condenser to 
50 the boiler zone. The driving force that causes movement 
is the surface tension of the liquid. 

A device designed for the measurement of the level of 
2000° F. molten lithium-cesium vapor in a chamber is 
illustrated in FIG. 3. The device includes a hollow metal 
55 T-shaped gage 50 having a probe portion 52 and a res- 
ervoir portion 60. A thermocouple 64 is attached to the 
bottom wall 66 of the reservoir 60. The gage is positioned 
with its probe portion 52 inserted through the wall 54 
of the storage vessel. The probe portion 52 extends 
60 through the molten lithium body 56 and into the super- 
natant cesium superheated vapor body 58. 

The probe portion 52 is connected to an external res- 
ervoir portion 60. The reservoir 60 contains a body of 
lithium liquid 62 which in this case acts as the internal 
65 heat transport fluid. The internal walls 65 of the gage 50 
are lined with a porous wick-like material 67 such as a 
niobium-1 % zirconium mesh. The body of the probe is 
suitably formed of the same high temperature alloy. 

During operation the internal molten liquid lithium 
70 is pumped up the walls of the probe by means of the 
capillary surface tension pumping. The internal liquid 
62 that is adjacent the wall portions which are contacted 
by the external liquid is subject to evaporation whereas 
the liquid in the portion of the tube 52 above the liquid 
75 level 69 is subject to much much less evaporation. 
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The internal liquid on the walls of the probe portion 
immersed in the body of liquid 56 absorbs heat from the 
external liquid and evaporates to form a body of vapor 
which moves downwardly into reservoir area 6ft. The 
heated vapors contact the colder walls of reservoir 60 and 
condense to replenish the supply of internal liquid lithium 
62 which continues its journey upwardly into the probe 
area 52. The heat released to the reservoir walls 6ft is 
radiated into vacuum in this case. 

This level gage utilizes the principle that the natural 
convection heat transfer coefficient for a liquid is much 
greater than that of a vapor or gas. If heat is removed 
from the heat pipe portion in contact with the body of liq- 
uid and temperatures the body of liquid and the tube wall 
are held constant then the amount of heat exchanged be- 
tween the liquid and gas in the vessel and the heat pipe 
is proportional to the amount of the probe which is in 
contact with the liquid. Measurement of this total amount 
of heat or of a quantity proportional to this amount pro- 
vides a measure of the liquid level. If the relationship be- 
tween the tube wall temperature and the heat removal 
rate is fixed or known, then the tube wall temperature 
can be allowed to vary. Measurement of the tube wall 
temperature, heat removal rate or a quantity proportional 
to either then provides a measure of liquid level. 

For the probe of FIG. 3 the heat input to the internally 
cooled probe is directly proportional to the length of the 
probe in contact with the liquid metal. The heat input 
is transferred by the heat pipe action to the reservoir 
section where the heat is rejected by radiation. Since the 
area of radiation is fixed the temperature of the radiating 
section is determined by the total heat input and hence 
is a measure of the liquid level. 

The approximate relationship (neglecting heat pipe 
and wall temperature differences) that holds between 
liquid and level temperature is: 

irdn (/.fl — /-.[ ) /< v ( T\ l \ ) 

+7rd 0 LJk(T 1 -T I )=AMTr i -T e i ) 

where 

d 0 =probe diameter 
L 0 =probe length 
Lj-liquid level 

h v — vapor heat-transfer coefficient 
hj=liquid heat-transfer coefficient 
T r = liquid temperature 
T r =radiating temperature 
T e = ambient temperature 
A r = radiating area 
e=emissivity 

o-=Stefan-Boltzman constant 
For the case 7i v <<^i, 

A'MTS-TJ) 

TrdoM^-Tr) 

Thus, for a fixed geomery, the liquid level is a func- 
tion of the natural convection coefficient E 1; the lithium 
temperature Tj, the ambient temperature T e , and the 
radiating temperature T r . During a period of time when 
the first three parameters are nearly constant, measure- 
ment of T r will provide a measure of the level. The cal- 
culated relation between 2000° F. lithium level and radiat- 
ing temperature T t for the geometry of the separator probe 
of FIG. 3 is shown in FIG. 4. This calculation included 
the effect of wall temperature differences and the varia- 
tion of h! with Li. A change in level of three inches re- 
sults in a change in thermocouple output of 100° F. Cali- 
bration of the probe at one level can be used to establish 
the actual operating curve. 

The predicted behavior was checked with a similar level 
indicator at lower temperature with water as the heat pipe 
fluid. In this probe the heat rejection from the radiator was 
accomplished by natural convection. The unit was tested 
by varying the level of Dow-Therm A heated to 250° F. 
with the result shown in FIG. 5. The measured tempera- 
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ture difference agrees with the calculated value within 
15%, and the theoretical variation of temperature with 
level is followed closely. 

The temperature of the two-phase fluid medium and the 
_ vaporization temperature of the internal heat transport 
fluid determine whether the heat transport to be measured 
is to be extracted from the medium or added to the medi- 
um. For example, if the desired vaporization temperature 
of the heat transport fluid is below the temperature of the 
jq medium, heat can be removed from the two-phase external 
fluid. If the vaporization or condensation temperature is 
above that of the two-phase fluid heat in the form of the 
latent heat of vaporization may be added to the external 
two-phase fluid. The probe device of the invention can be 
lo utilized at extremely high and extremely low tempera- 
tures to determine the relative amounts of phases in static 
or moving bodies of mixed vapor and liquid phases. The 
bodies of fluid being analyzed may be either single com- 
ponent or mixed component type. 

20 An embodiment of the analysis device of the invention 
useful in determining the amount of liquid in a two-phase 
flowing stream is illustrated in FIG. 6. The device is again 
in the form of a hollow tubular closed end heat pipe hav- 
ing a probe section 100 and a reservoir section 102. The 
25 probe segment 100 of the gage is positioned within the 
process stream conduit 104 so that the liquid droplets 
106 and the gas phase molecules (not shown) impinge 
directly and continuously upon the outer walls of the probe 
segment 100. 

30 The reservoir 102 is in this embodiment encapsulated 
in a block of thermal insulation 108. The reservoir is 
further provided with a thermocouple well 110 and a heat- 
ing coil 112 is attached to the end wall 111 of the reser- 
voir 102. The output from the thermocouple 110 is utilized 
35 to operate a relay 114 which actuates the power source 
116 for the heating coil 112. The heating coil circuit fur- 
ther includes a voltmeter 120 and an ammeter 122 to pro- 
vide a continuous reading of the energy input to the coil 
112. 

40 The internal walls of the entire device including probe 
segment 100 and reservoir segment 102 are covered with a 
porous wick-like surface coating 124 having the ability 
to wet the liquid and allow it to rise by surface-tension, 
capillary forces. 

The instantly described device is intended to operate 
at a fixed temperature slightly above the temperature of 
the mixed-phase fluid stream within the conduit 104. 
The relay system and controller actuated by the thermo- 
couple send power to the heater to maintain this constant 
temperature. The heating of the internal heat transport 
oU liquid 132 present within the reservoir structure by means 
of the heating coil creates vapor which again permeates 
the entire device. The vapor rises to the probe section 100 
and transfers its heat across the wall of the probe to the 
__ droplets present on the exterior wall of the probe. In the 
00 process of transferring the heat, the vapor condenses and 
the capillary forces provided by the wick-like coating 124 
return the condensed working fluid back to the reservoir 
of evaporating zone 102 of the device adjacent to the 
heater 112. 

During operation the device operates as a closed tube 
cycle with internal heat transport of a condensing and 
evaporating fluid which normally maintains all of the 
surfaces at a uniform temperature. When only gas 
6 _ passes through conduit 104 and impinges probe seg- 
ment 100, the condensation inside the segment is at a 
minimum resulting in the lowest value of heat input 
necessary to maintain the device at a fixed temperature 
differential. The heat input is monitored and determined 
70 in terms of the total power as measured by the amper- 
age and voltage on the ammeter and voltmeter 120 
and 122. However when a mixture of gas and liquid 
contacts the probe segment 100, the amount of con- 
densation inside the segment increases resulting in a 
75 somewhat higher value of heat input necessary to main- 
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tain the fixed temperature differential. Suitable vapor- 
izable liquids include methyl alcohol, acetone, water, gly- 
cols and Freons (fluorinated hydrocarbons) for lower 
operating temperatures. For high operating temperatures 
such as in the presence of molten liquid metals, mercury, 
sodium, or lithium may be utilized. 

When operating the device in this manner a versatile 
system is achieved. A small change in the ratio of liquid 
to vapor in the process stream, significantly changes in 
the heat transfer balance and the electrical heat input 
required to maintain the probe segment 100 at a fixed 
small temperature differential, AT, above the average 
temperature of the impinging two-phase flow stream 
within the conduit 114. 

This measured heat, Q m , provides an indication of 
the liquid impacting the probe, if the heat transfer 
to the gaseous or vapor phase alone and heat losses are 
subtracted from the reading. If the two-phase mixture 
is a single component such that the liquid is re-evaporated 
from the probe, then the mass of impacting liquid is 
just given by 


t»i = 


_ Qm Qv Q 1 

Ly-t-CpAT 


where m, is the total liquid mass flow rate that impacts 
the probe and sticks to it. 

Q m is the measured heat flow (calculated from the volt- 
age and amperage of heater 112) . 

Q v is the heat flow to the vapor alone to maintain the 
probe at a temperature difference of AT, above the 
stream. 

Qi is the heat loss from the probe to the surrounding 
structure. 

Ly is the latent heat of the liquid. 
c p is the sensible heat of the vapor. 

If a two-component two-phase mixture is impacting the 
probe then 


rh\- 


Qm Qv Ql 

CpA T 


It is to be understood that only preferred embodiments 
of the invention have been disclosed, and that numerous 
substitutions, alterations and modifications are all per- 
missible without departing from the scope of the inven- 
tion as defined in the following claims. 

What is claimed is: 

1. A method of determining the relative amount of a 
component of a two-phase body of fluid comprising the 
steps of: 

inserting into a container for said body of fluid a first 
portion of a hollow heat conducting probe which 
is closed at both ends and contains a vaporizable 
internal heat exchange fluid; 

extending a second portion of said probe exterior 
to said container; 

exchanging heat between said first portion and each of 
said phases by evaporation and condensation of said 
internal fluid; 

transferring heat between said portions; and 

measuring a parameter related to the amount of heat 
exchanged between said first portion and said phases 
to determine said relative amount. 

2. A method according to claim 1 further including the 
steps of initially calibrating said first portion of the probe 
by determining the amount of heat exchanged between 
the probe and bodies of fluid containing from 100% liquid 
to 100% vapor and recording said amount of heat ex- 
change. 

3. A method according to claim 1 in which said heat 
is transferred by the movement of said internal fluid from 
said first portion to said second portion. 

4. A method according to claim 3 wherein said in- 
ternal fluid moves by capillary flow. 


5. A method according to claim 4 wherein said capil- 
lary flow is increased by providing a capillary wick along 
the interior wall of said probe. 

6. A method according to claim 1 wherein said two- 
g phase body of fluid is a static body of fluid and the level 

of said fluid is determined by analyzing the ratio between 
the phases of said fluid. 

7. A method according to claim 1 in which said body 
is a moving stream. 

10 8 ' A. method according to claim I in which said in- 

ternal fluid condenses at a temperature slightly above the 
temperature of said two-phase body and said condensed 
internal fluid is transferred to said second portion where 
it is evaporated by an external heater applied to said 
15 second portion section and the amount of heat necessary 
to maintain said probe at a constant temperature is deter- 
mined. 

9. A method according to claim 1 wherein said internal 
fluid boils at a temperature slightly below the tempera- 

20 ture of said two-phase body of fluid and said vapor is 
transferred to said second portion where it is condensed 
and the temperature of said second portion is determined. 

10. A device for quantitatively analyzing the distribu- 
tion between a two-phase body of fluid stored within a 

25 container comprising: 

a hollow, elongated probe having a first portion in- 
cluding a first closed end insertable into said con- 
tainer into heat exchange contact with both of said 
phases; 

a second portion of said probe including a second 
closed end extending without said container; 
means for transferring heat between said first and sec- 
ond portions comprising a vaporizable, internal, heat 
exchange fluid flowing cyclically between said por- 
tions; and 

means associated with said second portion for deter- 
mining the amount of heat exchanged between said 
first portion and said phases. 

11. A device according to claim 10 wherein said closed 
40 end probe further contains a capillary wick lining the in- 
terior walls of said probe for transferring the internal fluid 
between said portions. 

12. A device according to claim 11 wherein said inter- 
nal fluid is a liquid metal. 

45 13. A device according to claim 10 wherein said closed 

end probe includes an internal fluid condensible at the 
temperature of said two-phase body of fluid and further 
includes a heating element associated with said second 
portion and means for determining the amount of power 
50 supplied to said heating element. 

14. A device according to claim 11 wherein said inter- 
nal fluid vaporizes at the temperature of said two-phase 
body of fluid. 

15. A device according to claim 10 wherein said deter- 
55 mining means comprises means for sensing the tempera- 
ture of said second portion. 
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